May 24th, 1917. 


Messrs. Walker & Chambers, tate : Ny, 
222 Kast 41st Street, aie: 
New York. 


Dear Sirsi- . ) : | : : 
Referring to your circular letter of the 21st - 
suggesting that ve permit you to advise us with | regard. 
to the condition of our heating plant, I beg to state 
that we should be glad to. have you: shy sy on or about 

the 12th of June. 


Yours very truly,. 


Wy 3 ¢ fe fed i + Secretary. Leet 


ALBERT N.CHAMBERS 


WALKER & GHAMBERS, 
ENGINEERS & CONTRACTORS. 
STEAM AND WATER HEATING AND VENTILATING. 
222 ¥asr 41°T STREET. 


Texernones, 587 Murray Hive. NEw YORK, June 14th, 1917. 


DICTATED BY Mr, Chambers, 


The American Numismatic Society, 
Broadway, Bet, 155th & 156th Sts., 

New York City. 
Gentlemen:~ 

We will furnish and install a new Metal Sylphon Damper 
Regulator, with all necessary chains, oulleys, etc., repair the 
Water Feeder, clean the Boiler and Smoke Flue, and insert a new 
Fusible Plug in the furnace, for the sum of 

FORTY ($40.) DOLLARS, 

We will furnish and install in the furnace of the boiler, 
a 1-1/2" Brass Pipe, with Brass Fittings, etc., connecting same to 
the Hot Water Tank, for the sum of 

FIFTY ($50,) DOLLARS, 

These prices are subject to change in market price of 
material. 

Trusting to receive the order, we renain, 

Yours very truly, 
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Reteseing. to your letter of the ath,. Al you. nae 
kindly submit a revised estimate CaM Ae Se ‘the tole ete a ee 
dowingi= | 


Views ae eth teak 


Mie. 
a. For pyeantie the voller, smoke flue and Rae 
Feheeta ric a new fusible plug in the furnace. You yc eee 
-Wiil see by referring to your letter that this heme eet 
plies omitting the furnishing and installing - new Bet Rnd: oh, 
metal sylphon damper regulator. | oe Pb Sab 


— 
* 
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(bo). With regard te. the hot water Rcuamaaes = oy a 
how long would this lest, or for what length of ' dimes es 
would you be willing to guarantee it ® Did youriine 
spestor intend to use the fittings outside the poiler ~ 
we-already have «- if not, would it be payeshig ke, ren eas ae ba 
duce the estimate by so doing r | . tnd ee 
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ALBERT N.CHAMBERS. 


WALKER & CHAMBERS. 


ENGINEERS s&s CONTRACTORS A 
STEAM AND WATER HEATING AND VENTILATING. 
222 East 41°57 STREET. 


586 
TeLerHowes, 887 | Munmay Hiei . NEw YORK, June cond , boli 


pictateon By Mr, Chambers, 


The American Numismatic Societ 
Broadway between 155th & 126th Sts., 
New York City, 


- Gentlemen:- 


Replying to your favor of June 20th, would state as follows: 

(a) For cleaning the boiler, smoke flue, and inserting a new 
fusible plug in the furnace, our price will be FOURTEEN ($14. ) DOLLARS, 

If you do not have the Sylphon Regulator - which is worth | 
$16., erected, you will require a new Diaphragm Regulator, which is 
worth Ee erected, 

You do not mention the Water race which requires repairs 
and is worth $10, for the labor and the new parts needed, 

(b) We cannot guarantee the brass pipe coil in the boiler, used 
as a water-back, for any length of time, as it depends upon the manage- 
ment of the boiler and whether the pipe is kept clean, We do not 
recommend this in heating boilers.- If the water gets too hot in the 


tank, so that the water-back makes steam, it would be liable to bum 


out. We did not intend to use the old fittings, as they are liable to 


_ leak when re-used. 


Yours very truly, y 
/ 


(LMU V// Ch TORE EES, <Z 


\ 
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ie | _ June 25th, 1927.. 


Waiker & Chambers, 
222 Yast 4ist Street, 
New York City. | ad eek bal 
Dear Sixst= | ; 
Referring to your letter of dune 22nd, would it be 
too much to ask that you have your representative call 
again ? Any morning this week would be satisfactory to 
mee I find that our Janitor has not a very clear under= 
standing of the suggestions you have made, and feel it 
will be necessary for me to go over the matter with your .man 
in erdey to explain it to our PON HORA TERN = 
_ Regretting that this was not done when you first 
ome Zz beg | %o usa: 


Yours very truly, 


| Secretary. 


ALBERT N. CHAMBERS. 


WALKER & CHAMBERS, 


SNGINEERS AND CONTRACTORS. 
STEAM AND WaTER HeatinG anp VENTILATING, 


222 EAST 41sr STREET, 


586 
TELEPHONES MURRAY HILL (87 Sy 


588 NEW YORK, “Z2y 6 /g/f 


Dearegin: 

At this season of the year we suggest to our 
customers that any additions, alterations, repairs and 
the usual cleaning of heating plants, can be done to greater 
advantage than in the Fall, when it will be hard to obtain 
sufficient skilled labor to meet the numerous calls for 
this service. 

We trust that you will find it agreeable to 
give us an order for whatever work you require in con- 
nection with your heating plant, at an early datée 


Very truly yours, 


Ye cner bl pharbeca 
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